GA 


Thi 


S SAFETY CERTIFICATE 


m can be used as a Landlord's gas safety certificate 


Engineer Contract Number §=9§ QOS Landlords Details If Different 
Gas Safe Customer Name Ergye Name 
Engie Office Address Site Address CAROL Groh F b i) Address im7e 
\4 Goren FRE. Sncflrerol Enter Company 
7 Postcode Sio 38N Postcode Registration 
Received By Signature Rented Accommodation YeESTNO Number 
Landlords Service Appliance Details 
li ti 
aoe ence bce Location Type | Model Serial Number | Burner Manufacturer Fueryne 
1 | Yip Seven | SUokueinten) Uaissman S Veo Gok TS) 20\0 Veissmary 
Yes Senrea_| Perr oom on U200 Gowns 1Z)20\0 Ueiss men 
fren of bli ney 


General Safety Checks Resutt | General Safety Checks Result Ventilation 
on a Operating conectly A Flue termination satisfactory (Yas/No/NA) Y> [usw level free area cm? or ventilation flow rate inlet m/h Actual \V.OG me Required (Calculates) “17 que 


is there a current gas installation line diagram at 
primary meter (Yes/No/NA) 


isolation valve (Yes/No/NA) 


trae a tightness test bean carried out from local 


High level free area cr? or ventilation flow rate extract m'/h 


Tact ABSA CA= Required (Calculates 49D quit. 


Is the meter installation correct (Yes/No) 


Is gas pipework electrically bonded (Yes/No) 


All ventilation grills clear and unobstructed (Yes/No) 


Uoy 


Fans and/or flue interlocks operating correctly (Yes/No/NA) 


Gas Installation pipework adequately supported 
(Yes/No) 


| o> 


o> 


| (Yes/No) 


Are adequate emergency isolation valves fitted 


Details of any faults 


=] 


Remedial Action Taken 


Comments and calculations | 


Gas Installation pipework sleeved and sealed as} 
appropriate (Yes/No) 


| Xo 


‘Are emergency valve handles in place 
labelled (Yes/No) 


and 


| Ses Medes VON NTs 


OckwLoxh UelhioWwien 


1s gas pipework colour coded or identified 


Do valves fall to the carract position (Yes/No) 


Oe feck loapge nck 


(Yes/No/NA) to» Yer CARA , 

Is flue system installed in accordance with n 

pede apie Yo> [Area clear of combustible materials (Yes/No) Yoo be 

TKR ‘App tor | App2or | Aop3or | App4or App tor | App2or | App3or | App4or Tor | App2or | App3or | App 4or 

Appliance Checks ‘App 1 High] App 1 Low | App 2 High| App 2 Low App 1 High| App 1 Low | App 2 High] App 2 Low App 1 High| App 7 Low | App 2 High| App 2 Low 
[Fee (oid eek Salatadie/ (SRNOINAS Yos Eis Gos urner pressure [mbar or heat input aa NO Carbon Dioxide (CO,) (3) 63 133 | 

Spillage test satisfactory (Yes/No/NA) Yo> Yo> eee Pressure (mbar) or heat input KW/h NO nN Excess Air (%) wa 2s 

Air/Gas switch operating correctly (Vas/No/NA) | Yo, Yo Gas rating measured (kW/h / NA) Ip Ne wa COCO, Ratio ech |,coos 

| p r 
ira Te reel devices operating correctly | Mos G > Air/gas ratio control setting (A/NA) NY rey Gross Efficiency (3) G7 ay 
Burner lock out time (seconds) q@ | Rea ie Rages temparaisne faces less LO) || SQ CO flue dilution (ppm) ns Ay 
= - + 

Temperature and limit thermostats operating ; 

correctly (Yes/No) Yo Yo> ‘Oxygen (0; %) 34 $5 Standing pressure (mbar) LS 25 | i 

Heat net input rating data (kW) SSA |GiKus Carbon Monoxide (CO}(ppm) Lm AZ. Working pressure (mbar) 20 _|26 | 

: i safe for use No) 
Relenc (if used) a Declaration of gas safety - | confirm that all of the above work described on this form has been satisfactorily fs appliance (Yes/No) | p> Yo» 
\ 2\ 244 \ completed in accordance with the current Gas Safety (installation and use) regulations, standards and procedures. Has a warning advice notice been raised s 
sate - — - (No or Warning notice Ser No or No’s) Nor - Sar Molen 
Date 
Checked by {office use) NA | 2S | Z | 1 Test Instrument 4 we) 
Entered on database Ys | Signature Test Instrument serial number LO DRE $390 | 


Distribution: 


White - Customer, 


Pink - Site, Green - Engineer 


Version No: 01 


Version Date: February 2015 


Security Classttication: Unclassified 


